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It then flows through the bottom of the screen and is conveyed
away, leaving the sludge and other coarse material inside.

By the rotation of the screen the sludge is worked forward
by a narrow spiral plate, which projects from the inner surface
until it reaches the further end, where it is lifted by a series of
short radial buckets attached to the perimeter. On reaching a
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certain elevation the sludge slips off upon a sloping trough,
which deliver** it through the end of the cylinder and drops it into
a receptacle from which it in raised and transported by suitable
conveying machinery to an elevated sludge tank.
The sludge that collects on the screen is washed off by 12 1/16-
in, water jets in each of two horizontal pipes placed just outside